DIM!  RLE  eePY 


MISSISSIPPI  -KASKASKIA-ST.  LOUIS  BASIN 

I 


ADAl  04996 

KRUEGER  LAKE  DAM 
WARREN  COUNTY,  MISSOURI 
MO  11007 


PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  SAFETY  PROGRAM 


c* 


United  States  Army 
Corps  of  Engineers 

...  the  Army  \ 

Srn'injf  thr  Nation  \ 

St.  Louis  District  V 


PREPARED  BY:  U.  S.  ARMY  ENGINEER  DISTRICT,  ST.  LOUIS 


FOR:  STATE  OF  MISSOURI 


^,1rl  —  I  *  ,  . 


•’  •'  -i  i/ilC  ri  proiniou 
'•  iii  lo  in  fclatk  ami 


SEPTEMBER  ,  1979 

81  10  2  1 50 


_  unclassif: 


SECURITY  CLASSIFICATION  OF  THIS  PAGE  (When  Dele  Entered) 


REPORT  DOCUMENTATION  PAGE 


4.  TITLE  (end  Subtitle) 

Phase  I  Dam  Inspection  Report 
National  Dam  Safety  Program 
Krueger  Lake  Dam  (MO  11007) 
Warren  County,  Missouri 


7.  AUTHORO) 

Consoer,  Townsend  and  Associates,  Ltd. 


t.  PERFORMING  ORGANIZATION  NAME  ANO  AOORESS 

U.S.  Army  Engineer  District,  St.  Louis 

Dam  Inventory  and  Inspection  Section,  LMSED-PD 

210  Tucker  Blvd.,  North,  St.  Louis,  Mo.  63101 


II.  CONTROLLING  OFFICE  NAME  AND  AOORESS 

U.S.  Army  Engineer  District,  St.  Louis 

Dam  Inventory  and  Inspection  Section,  LMSED-PD 

210  Tucker  Blvd.,  North,  St.  Louis,  Mo.  63101 


/ '  ;  National  Dam  Safety  Program.  Ki  „ 

(  (c  Lake  Dam  (MO  11007),  Mississippi  -  I 
I  Kaskaskia  -  St.  Louis  Basin,  \ykrren  ^ 


READ  INSTRUCTIONS 
BEFORE  COMPLETING  FORM 


3.  RECIPIENT'S  CATALOG  NUMBER 


5.  TYPE  OF  REPORT  &  PERIOD  COVERED 


Final 


/efart  *  - 


County, 
Report . 


Missouri 


Louis  Basin,  \yarren 
.  Phase  I  Inspection 


Sep 


13.  NUMBER  OF  PAGES 

Approximately  70 


IS.  SECURITY  CLASS,  (ot  (Ala  report) 

UNCLASSIFIED 


15a.  DECLASSIFICATION/DOWNGRADING 
SCHEDULE 


If.  KEY  WORDS  (Continue  on  rawmraa  alda  It  nacaaaary  and  Idantlty  by  block  mmbar) 

Dam  Safety,  Lake,  Dam  Inspection,  Private  Dams 


20.  ABSTRACT  ftCaaNMua  me  reveree  aMi  H  n—i eeety  tmd  Identity  try  block  number) 

This  report  was  prepared  under  the  National  Program  of  Inspection  of 
Non-Federal  Dams.  This  report  assesses  the  general  condition  of  the  dam  with 
respect  to  safety,  based  on  available  data  and  on  visual  inspection,  to 
determine  if  the  dam  poses  hazards  to  human  life  or  property. 


COITION  OF  *  NOV  SS  IS  OBSOLETE 


J  SECURITY  ( 


y  UNCLASSIFIED 

iw  OF  THIS  RASE  Data  Eni arad) 


SUBJECT:  Krueger  Lake  Dam  (Mo.  11007)  Phase  I  Inspection  Report 


This  report  presents  the  results  of  field  inspection  and  evaluation  of 
the  Krueger  Lake  Dam  (Mo.  11007). 


It  was  prepared  under  the  National  Program  of  Inspection  of  Non-Federal 
Dams . 


This  dam  has  been  classified  as  unsafe,  non-emergency  by  the  St.  Louis 
District  as  a  result  of  the  application  of  the  following  criteria: 


1) 

2) 

3) 


Spillway  will  not  pass  50  percent  of  the  Probable  Maximum  Flood 
Overtopping  could  result  in  dam  failure 

Dam  failure  significantly  increases  the  hazard  to  loss  of  life 
downstream 


SUBMITTED  BY: 


SIGNED 


1  8  SEP  1979 


Chief,  Engineering  Division 


Date 


APPROVED  BY: 


SIGNED 


i  Q 


8  SEP  (970 


Colonel,  CE,  District  Engineer 


Date 


KRUEGER  LAKE  DAM 
WARREN  COUNTY,  MISSOURI 


MISSOURI  INVENTORY  NO.  11007 


PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  SAFETY  PROGRAM 


PREPARED  BY 

CONSOER,  TOWNSEND  AND  ASSOCIATES  LTD. 
ST.  LOUIS,  MISSOURI 
AND 

ENGINEERING  CONSULTANTS,  INC. 
ENGLEWOOD,  COLORADO 
A  JOINT  VENTURE 


UNDER  DIRECTION  OF 

ST.  LOUIS  DISTRICT,  CORPS  OF  ENGINEERS 
FOR 

GOVERNOR  OF  MISSOURI 


SEPTEMBER  1979 


PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  SAFETY  PROCRAM 


Name  of  Dam: 

State  Located: 
County  Located: 
Stream: 

Date  of  Inspection: 


Krueger  Lake  Dam,  Missouri  Inv.  No*  11007 

Missouri 

Warren 

An  Intermittent  stream  tributary  to  an  unnamed 
tributary  of  Smith  Creek 
May  16,  1979 


Assessment  of  General  Condition 


Krueger  Lake  Dam  was  Inspected  by  the  engineering  firms 
of  Consoer,  Townsend,  and  Associates,  LTD.,  and  Engineering 
Consultants,  Inc.  (A  Joint  Venture)  of  St.  Louis,  Missouri  using 
the  "Recommended  Guidelines  for  Safety  Inspection  of  Dams".  These 
guidelines  were  developed  by  the  Chief  of  Engineers,  U.S.  Army, 
Washington,  D.C.,  with  the  help  of  Federal  and  State  agencies, 
professional  engineering  organizations,  and  private  engineers.  The 
resulting  guidelines  are  considered  to  represent  a  consensus  of  the 
engineering  profession. 

Based  on  the  criteria  in  the  guidelines,  the  dam  is  in 
the  high  hazard  potential  classification,  which  means  that  loss  of 
life  and  appreciable  property  loss  could  occur  in  the  event  of 
failure  of  the  dam.  The  estimated  damage  zone  extends  about  one 
mile  downstream  of  the  dam.  Within  the  damage  zone  are  four 
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houses,  one  road  crossing  and  one  State  Highway  which  may  be 
subjected  to  flooding,  with  possible  damage  and/or  destruction,  and 
possible  loss  of  life.  Krueger  Lake  Dam  is  in  the  small  size 
classification  since  it  is  less  than  40  feet  high  and  impounds  less 
than  1,000  acre-feet  of  water. 

Our  inspection  and  evaluation  indicates  that  the  spill¬ 
way  of  Krueger  Lake  Dam  does  not  meet  the  criteria  set  forth  in  the 
guidelines  for  a  dam  having  the  above  size  and  hazard  potential. 
Krueger  Lake  Dam  being  a  small  size  dam  with  a  high  hazard 
potential,  is  required  by  the  guidelines  to  pass  from  one-half  of 
the  Probable  Maximum  Flood  to  the  Probable  Maximum  Flood  without 
overtopping.  Since  there  is  high  hazard  potential  downstream  of 
the  dam,  the  appropriate  spillway  design  flood  for  this  dam  is  the 
Probable  Maximum  Flood.  Based  on  available  data  it  was  determined 
that  the  reservoir/spillway  system  can  accommodate  ten  percent  of 
the  Probable  Maximum  Flood  without  overtopping  the  dam.  Our 
evaluation  also  indicates  that  the  dam  will  be  overtopped  by  the 
100-year  flood.  However,  the  reservoir/spillway  system  can 
accommodate  the  10-year  flood  without  overtopping. 

The  Probable  Maximum  Flood  is  defined  as  the  flood 
discharge  that  may  be  expected  from  the  most  severe  combination  of 
critical  meteorological  and  hydrologic  conditions  that  are  reason¬ 
ably  possible  in  the  region.  The  10-  and  100-year  floods  are 
defined  as  floods  having  ten  percent  and  one  percent  chance, 
respectively,  of  being  equalled  or  exceeded  during  any  given  year. 

Another  major  deficiency  with  Krueger  Lake  Dam  is  the 
longitudinal  cracks,  some  with  vertical  offset,  and  the  embankment 
sloughing  on  the  crest  and  upstream  slope  of  the  embankment.  These 
observations  indicate  instability  in  the  embankment  section  of  the 
dam. 
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Other  deficiencies  noted  by  the  inspection  team  were, 
wave  erosion  on  the  upstream  embankment,  rodent  activities  on  the 
embankment,  the  erosion  and  unstable  right  bank  of  the  spillway 
channel,  seepage  occuring  in  the  left  bank  of  the  spillway  dis¬ 
charge  channel,  trees  and  large  brush  on  spillway  discharge  chan¬ 
nel,  and  a  lack  of  periodic  inspection  by  a  qualified  engineer* 
The  lack  of  stability  and  seepage  analysis  on  record  is  also  a 
deficiency  that  should  be  corrected. 

It  is  recommended  that  the  owner  take  immediate  action 
to  study  the  embankment  stability,  and  correct  or  control  the 
several  deficiencies  described  above  in  the  near  future. 
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PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  SAFETY  PROGRAM 


KRUEGER  LAKE  DAM,  Missouri  Inv.  No.  11007 


SECTION  1:  PROJECT  INFORMATION 


General 


a.  Authority 

The  Dam  Inspection  Act,  Public  Law  92-367  of 
August,  1972,  authorizes  the  Secretary  of  the  Army,  through 
the  Corps  of  Engineers,  to  initiate  a  national  program  of  dam 
inspections.  Inspection  for  Krueger  Lake  Dam  was  carried  out 
under  Contract  DACW  43-79-C-0075  to  the  Department  of  the 
Army,  St.  Louis  District,  Corps  of  Engineers,  by  the  engi¬ 
neering  firms  of  Consoer,  Townsend  &  Associates  Ltd.,  and 
Engineering  Consultants,  Inc.  (A  Joint  Venture),  of  St.  Louis, 
Missouri. 

b.  Purpose  of  Inspection 

The  visual  inspection  of  Krueger  Lake  Dam  was  made 
on  May  16,  1979.  The  purpose  of  the  inspection  was  to  make  a 
general  assessment  as  to  the  structural  integrity  and  opera¬ 
tional  adequacy  of  the  dam  embankment  and  its  appurtenant 


structures 


c.  Scope  of  Report 

This  report  summarizes  available  pertinent  data 
relating  to  the  project;  presents  a  summary  of  visual 
observations  made  during  the  field  inspection;  presents  an 
assessment  of  hydrologic  and  hydraulic  conditions  at  the  site; 
presents  an  assessment  as  to  the  structural  adequacy  of  the 
various  project  features;  and  assesses  the  general  condition 
of  the  dam  with  respect  to  safety. 


Subsurface  investigations,  laboratory  testing,  and 
detailed  analyses  were  not  within  the  scope  of  this  study. 
The  conclusions  drawn  herein,  therefore,  are  based  on  the 
presence  of  or  absence  of,  obvious  signs  of  distress.  Mo 
warranty  as  to  the  absolute  safety  of  the  project  features  is 
implied  by  the  conclusions  presented  in  this  report. 


It  should  be  noted  that  reference  in  this  report  to 
left  or  right  abutments  is  as  viewed  looking  downstream. 
Where  left  abutment  or  left  side  of  the  dam  is  used  in  this 
report,  this  also  refers  to  south  abutment  or  side,  and  right 
to  the  north  abutment  or  side. 


d.  Evaluation  Criteria 

Criteria  used  to  evaluate  the  dam  were  furnished  by 
the  Department  of  the  Army,  Office  of  the  Chief  of  Engineers, 
in  "Recommended  Guidelines  for  Safety  Inspection  of  Dams", 
Appendix  D.  These  guidelines  were  developed  with  the  help  of 
several  Federal  agencies  and  many  State  agencies,  professional 
engineering  organizations,  and  private  engineers. 
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1.2 


Description  of  the  Project 
a.  Description  of  Dam  and  Appurtenances 

It  should  be  noted  that  design  drawings  are  not 
available  for  the  dam  or  appurtenant  structures.  The 
following  description  is  based  exclusively  on  observations  and 
measurements  made  during  the  visual  inspection. 

The  dam  embankment  is  a  compacted  earthfill  struc¬ 
ture,  concave  upstream,  which  was  likely  constructed  from 
residual  soils  obtained  at  and  near  the  damslte.  The  crest 
width  measurements  were  as  follows  starting  from  the  left 
abutment;  eight  feet  wide  at  100  feet  and  200  feet,  ten  feet 
wide  at  300  feet,  nine  feet  wide  at  400  feet  and  ten  feet  wide 
at  500  feet  from  left  abutment.  The  crest  length  is  595  feet. 
The  crest  elevation  ranges  from  609.0  to  611.0  feet  above  MSL 
and  the  maximum  height  of  the  embankment  was  measured  to  be 
34.0  feet. 


The  downstream  slope  of  the  embankment  was  measured 
as  IV  to  3H-  It  was  not  possible  to  measure  the  upstream 
slope  because  of  high  reservoir  level.  No  riprap  was  placed 
on  the  upstream  slope.  The  entire  exposed  embankment  had  a 
grass  cover. 

Krueger  Lake  Dam  is  situated  on  the  border  between 
the  Dissected  Till  Plain  Section  of  Central  Lowlands  Physio¬ 
graphic  Province  which  extends  to  the  north  and  the  Ozark 
Plateau  Province  to  the  south.  Although  the  area  in  which  the 
dam  and  reservoir  are  located  was  glaciated  during  Pleistocene 
time,  the  till  and  loess  which  characterize  the  uplands  of  the 
Till  Plains  have  been  largely  removed  by  erosion  since  the  end 
of  the  Pleistocene.  The  area  is  characterized  by  wooded  hills 
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which  have  genCle  Co  steep  slopes 


The  bedrock  geology  of  the  area,  as  shown  on  the 
Geologic  Map  of  Missouri  (1977),  typically  consists  of  gently 
northeastwardly  dipping  (ca.  30-50  feet/mile)  sediments  of 
Paleozoic  age.  To  north  of  Warren  County  these  beds  are  often 
capped  by  young  (Pleistocene)  deposits  of  glacial  drift  and 
wind  blown  loess.  In  southern  areas  of  the  county  the 
bedrocks  are  generally  covered  by  residual  soil,  colluvium,  or 
alluvium.  The  rocks  underlying  the  area  are  predominately 
carbonates  (limestones  and  dolomites),  although  beds  of 
sandstone  and  shale  are  not  infrequent. 

Structurally,  as  stated  earlier,  the  rocks  are 
dipping  gently  northeastward  off  the  Ozark  uplift  to  the  south 
of  the  area  of  interest. 

The  bedrock  of  Warren  County  contains  some  minor 
folding.  The  largest  known  geologic  structure  in  the  area  is 
a  gentle  anticline  centered  about  2  1/2  miles  northwesterly  of 
the  town  of  Warrenton.  This  fold  does  not  appear  to  affect 
the  bed  at  the  damsite. 

The  spillway  for  Krueger  Lake  Dam  is  an  open 
channel  depression  in  the  right  abutment  just  beyond  the  end 
of  the  dam  embankment.  The  spillway  was  cut  into  bedrock,  and 
the  discharge  channel  lies  mostly  in  bedrock  downstream  of  the 
toe  of  the  embankment.  The  cross-section  of  the  spillway  is 
trapezoidal  in  shape,  with  a  bottom  width  of  25  feet,  side 
slopes  of  IV  to  4H,  and  a  maximum  elevation  below  the  crest  of 
the  adjacent  embankment  of  3  feet,  0  inches. 
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No  outlet  pipe  or  low  level  drain  was  found  at  the 

dam. 

b.  Location 

The  dam  is  located  near  the  head  of  an  unnamed 
westerly  flowing  intermittent  stream.  Approximately  1800  feet 
downstream,  the  stream  is  joined  by  a  minor  intermittent  creek 
from  slightly  south  of  east.  A  second  tributary  feeds  the 
unnamed  creek  from  the  north  about  4000  feet  downstream  of  the 
dam.  The  creek  joins  south  flowing  Smith  Creek,  a  perennial 
stream,  just  over  a  mile  downstream  from  the  dam.  Smith  Creek 
flows  into  the  Missouri  near  Mile  85  about  6500  feet  below  its 
confluence  with  unnamed  creek.  The  main  access  to  the  dam 
from  Warrenton,  Missouri,  is  south  on  County  Road  U  approxi¬ 
mately  11  miles  to  a  small  gravel  road  to  the  east.  The  dam 
and  lake  are  located  one  mile  east  on  the  gravel  road.  The 
damslte  is  shown  on  the  Treloar  Quadrangle  Sheet  (7.5  minute 
series)  in  Section  2,  Township  45  North,  Range  3  West. 

c.  Size  Classification 

According  to  the  "Recommended  Guidelines  for  Safety 
Inspection  of  Dams",  by  the  U.S.  Department  of  the  Army, 
Office  of  the  Chief  Engineer,  the  dam  is  classified  in  the  dam 
size  category  as  being  "Small"  since  its  storage  is  less  than 
1,000  acre-feet.  The  dam  is  also  classified  as  "Small"  in  dam 
height  category  because  its  height  is  less  than  40  feet.  The 
overall  size  classification  is,  accordingly,  "Small"  in  size. 


d.  Hazard  Classification 

The  dam  has  been  classified  as  having  "High"  hazard 
potential  in  the  National  Inventory  of  Dams,  on  the  basis  that 
in  the  event  of  failure  of  the  dam  or  its  appurtenances, 
excessive  damage  could  occur  to  downstream  property,  together 
with  the  possibility  of  the  loss  of  life.  Our  findings  concur 
with  the  classification.  Within  one  mile  downstream  from  the 
dam  are  four  houses,  one  gravel  road  crossing  and  State 
Highway  94  crossing. 

e.  Ownership 

Krueger  Lake  Dam  is  owned  by  a  private  owner,  Larry 
Bade.  His  mailing  address  is  Route  3,  Box  206A,  Warrenton, 
Missouri,  63383. 

f .  Purpose  of  Dam 

‘  The  purpose  of  the  dam  is  to  impound  water  for 
recreational  use  as  a  private  lake. 

g.  Design  and  Construction  History 

Krueger  Lake  Dam  was  built  in  1974  by  Hutchison  & 
Schafer  of  Wright  City,  Missouri.  Conversation  with  Mr. 
Hutchison  determined  that  no  formal  engineering  design  or 
analysis  was  followed  during  construction. 
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h.  Normal  Operational  Procedures 

Based  on  conversations  with  the  owner,  and  the 
findings  of  our  field  visit.  It  appears  that  Krueger  Lake  Dam 
has  no  operating  facilities  or  operational  procedures.  Water 
level  In  the  reservoir  below  the  spillway  Is  controlled  by 
rainfall,  runoff  and  evaporation. 
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1.3 


Pertinent  Data 


a.  Drainage  Area  (square  miles):  0.18 

b.  Discharge  at  Damslte 

Estimated  experienced  maximum  flood  (cfs) :  NA 

Estimated  ungated  spillway  capacity 

at  maximum  pool,  El.  609  Feet  above  MSL  (cfs):  90 

c.  Elevation  (Feet  above  MSL) 


Top  of  dam:  609.0 

Spillway  crest: 

Service  Spillway  608.0 

Emergency  Spillway  NA 

Normal  Pool:  608.0 

Maximum  Pool  (PMF) :  610.55 

d.  Reservoir 

Length  of  maximum  pool  (feet):  1,320 

e.  Storage  (Acre-Feet) 

Top  of  dam:  112 

Spillway  crest:  103 

Normal  Pool:  103 

Maximum  Pool (PMF):  130 

f.  Reservoir  Surface  (Acres) 

Top  of  dam:  9.0 

Spillway  crest:  8.4 

Normal  Pool:  8.4 

Maximum  Pool  (PMF) :  10+ 
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Dam 


Type: 

Length: 

Structural  Height: 
Hydraulic  Height: 
Top  width: 

Side  slopes: 

Downstream 

Upstream 

Zoning: 

Impervious  core: 

Cutoff : 


Rolled  Earthf 111 
595  feet 
34.0  feet 
34.0  feet 
8.0  feet  typical 

IV  to  3H 
Unknown 
Unknown 
Unknown 

Unknown 


Grout  curtain:  Unknown 

h.  Diversion  and  Regulating  Tunnel  None 

1.  Spillway 
Type:  Overflow 

Length  of  weir:  25  feet  (bottom  width  of  the  spillway  channel) 

Crest  Elevation  (feet  above  MSL) :  608  (assumed) 


j.  Regulating  Outlets 


None 


SECTION  2  :  ENGINEERING  DATA 


2.1  Design 

No  design  drawings  or  related  data  are  available  for 
Krueger  Lake  Dam.  All  information  was  gathered  through  phone 
conversations  with  the  owner  and  construction  contractor  by  the 
inspection  team  on  the  day  of  the  field  visit. 

2.2  Construction 

As  mentioned  above,  no  construction  data  is  available  on 
this  dam  for  use  in  this  report. 

2.3  Operation 

The  lake  receives  a  very  limited  amount  of  use  at  this 
time.  Normal  operation  is  to  allow  the  lake  to  be  controlled  by 
rainfall,  evaporation,  runoff  and  the  spillway. 

2.4  Evaluation 

a.  Availability 

No  design  drawings,  design  computations,  construc¬ 
tion  data,  or  operation  data  is  available. 


In  addition,  no  pertinent  data  was  available  for 
review  of  hydrology,  spillway  capacity,  flood  routing  through 
the  reservoir,  outlet  capacity,  slope  stability,  seepage 
analysis,  or  foundation  conditions. 

b.  Adequacy 

The  lack  of  engineering  data  did  not  allow  for  a 
definitive  review  and  evaluation.  Therefore,  the  adequacy  of 
this  dam  could  not  be  assessed  from  the  standpoint  of 
reviewing  and  evaluating  design,  operation  and  construction 
data,  but  is  based  primarily  on  visual  inspection,  past 
performance  history,  and  sound  engineering  judgment. 

Seepage  and  stability  analyses  comparable  to  the 
requirements  of  the  "Recommended  Guidelines  for  Safety 
Inspection  of  Dams"  were  also  not  available,  which  is 
considered  a  deficiency.  These  seepage  and  stability  analyses 
should  be  performed  for  appropriate  loading  conditions 
(including  earthquake  loads)  and  made  a  matter  of  record. 

c.  Validity 

No  valid  engineering  data  is  available. 
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SECTION  3:  VISUAL  INSPECTION 


3. 1  Findings 

a.  General 


A  visual  inspection  of  the  Krueger  Lake  Dam  was 


made  on  May  16,  1979.  The  following  persons  were 

during  the  inspection: 

present 

Name 

Affiliation 

Disciplines 

Dr.  M.  A.  Samad 

Engineering  Consultants,  Inc. 

Project  Engineer 

Hydraulics  and 

Hydrology 

Jon  Diebel 

Engineering  Consultants,  Inc. 

Structural  and 

Mechanical 

Peter  Strauss 

Engineering  Consultants,  Inc. 

Soils 

Peter  Howard 

Engineering  Consultants,  Inc. 

Geology 

Kevin  Blume 

Consoer,  Townsend  &  Assoc.,  Ltd. 

Civil  and 

Structural 
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Specific  observations  are  discussed  below 


b.  Dam 

The  downstream  face  of  the  dam  has  a  somewhat 
hummocky  feel  but  no  evidence  of  erosion  or  gulleying  was  seen 
on  the  embankment.  Several  natural  drainage  gulleys  run  down 
the  left  abutment  just  about  at  the  dam  contact.  Numerous 
rodent  holes  exist  in  the  embankment. 

The  lack  of  riprap  on  the  upstream  face  has 
resulted  in  minor  erosion  by  wave  action. 

A  few  samples  of  the  embankment  Indicates  that  the 
dam  is  composed  of  residual  soils.  Numerous  gravel  size 
pieces  of  rock  were  seen  on  the  slopes. 

A  number  of  longitudinal  cracks  were  noted  on  the 
crest  and  on  the  embankment  slope  near  the  crest.  The 
following  longitudinal  cracks  were  measured  from  the  left 
abutment:  A  vertical  crack  starting  at  94  feet  and  continuing 
to  305  feet.  This  crack  is  just  below  the  crest  on  the 
upstream  embankment  slope  and  ranges  from  1  inch  to  6  inches 
wide,  from  3  inches  to  eighteen  inches  deep  and  has  a  vertical 
offset  of  from  1  inch  to  9  inches.  Some  sloughing  of  the 
offset  material  into  the  reservoir  was  noted  between  155  feet 
and  182  feet.  This  crack  stops  in  the  reverse  curve  of  the 
dam.  A  vertical  crack  on  the  crest  runs  from  180  feet  to  231 
feet.  This  crack  is  from  1/4  inch  to  9  inches  wide,  has  a 
depth  of  1/2  inch  to  12  inches  and  a  vertical  offset  of  1  to  2 
Inches.  A  vertical  crack  on  the  downstream  slope  very  near 
the  crest  runs  from  158  feet  to  200  feet.  This  crack  ranges 
form  1-3  inches  wide,  is  about  7  inches  deep  and  has  a 
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vertical  offset  of  from  0-2  inches.  A  vertical  crack  in  the 
crest  runs  from  391  feet  to  430  feet.  This  crack  is  sinuous 
and  ranges  from  1/2  inch  to  5  inches  wide,  from  1-6  inches 
deep  and  has  an  offset  of  1  to  2  inches.  A  vertical  crack 
from  481  feet  to  505  feet  ranges  from  1  to  3  inches  wide,  from 
1-12  inches  deep  and  has  no  offset.  Some  sloughing  of  the 
upstream  slope  was  seen  between  300  and  400  feet  from  the  left 
abutment. 

No  seepage  was  observed  on  the  embankment  slope  or 
below  the  downstream  toe  of  the  embankment,  however,  some 
seepage  was  observed  in  the  spillway  discharge  channel  down¬ 
stream  of  the  embankment  beginning  at  approximately  100  feet 
from  the  right  abutment  of  the  dam.  This  seepage  emerged  from 
the  left  bank  of  the  spillway  discharge  channel  beginning  at 
the  location  described  above  and  extending  in  a  length  of  200 
feet.  The  seepage  was  oozing  from  the  bank,  with  the  cummu- 
lative  seepage  forming  a  small  flow  at  the  downstream  end  of 
the  spillway  channel. 

The  spillway  crest  and  channel  is  founded  on  a 
weathered  fine-grained  sandstone  and  dolomite.  Dolomite  is 
exposed  above  the  right  abutment  and  most  certainly  underlies 
the  dam  and  reservoir.  The  dolomite  is  the  Jefferson  City 
Dolomite  (Ordovician).  The  Jefferson  City  Dolomite  is  about 
400  feet  thick  in  the  area  of  the  damsite  but  the  base  is  not 
exposed  in  the  area.  About  90  feet  above  the  dam  the  St. 
Peter  sandstone  (Ordovician)  unconformably  overlies  the 
Jefferson  City  Dolomite. 

The  bedrock  under  the  dam,  the  Jefferson  City 
Dolomite,  is  suitable  for  a  small  dam  foundation  if  potential 
solution  channels  such  as  joints  are  blanketed  off  under  and 
upstream  of  the  dam  and  abutments.  It  could  not  be  ascer- 
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tained  if  this  had  been  done. 

The  slope  above  the  left  abutment  of  the  dam  is 
creeping  downhill.  This  is  exhibited  by  the  angle  at  which 
the  trees  are  leaning.  It  does  not  appear,  however,  that  a 
slide  will  occur  in  the  forseeable  future,  but  the  condition 
should  be  monitored. 

As  reported  by  the  Soil  Conservation  Service  (Soil 
Survey  of  Montgomery  and  Warren  counties,  Missouri,  1979),  the 
soil  in  the  bottom  land  consists  of  a  thin  (12  inches)  upper 
layer  of  silt  (ML)  with  considerable  clayey  gravel  (GC)  below. 
On  the  slope  are  residual  soils  consisting  of  clay  (CL)  and 
silty  clay  (CL,  CL-ML) .  The  residual  soils  of  the  area  are 
probably  comparable  to  the  "Clarksville"  soils  of  the  Ozark 
region.  These  soils  generally  are  fairly  high  in  clay  content 
and  are  not  easily  erodable.  The  dam  is  located  in  an  area  of 
"Union  Silt  Loams"  which  are  mixed  loessial  and  residual 
soils. 


c.  Appurtenant  Structures 
(1)  Spillway 

The  spillway  section  is  founded  on  bedrock, 
described  in  the  previous  section.  Discharges  through  the 
spillway  will  flow  on  bedrock  to  and  beyond  the  toe  of  the 
embankment.  Embankment  materials  will  not  be  substantially 
eroded  by  flows  through  the  spillway.  The  spillway  channel 
downstream  of  the  crest  is  overgrown  with  trees  and  brush. 
Some  dead  trees  are  also  lying  in  the  spillway  channel. 
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The  right  bank  of  the  spillway  at  the  crest  is 
composed  of  residual  soils  constructed  on  a  steep  slope*  This 
causes  the  material  to  slough  into  the  channel  section, 
decreasing  the  capacity  of  the  spillway.  The  spillway  section 
is  currently  partially  filled  with  eroded  materials  from  this 
bank. 

(2)  Outlet  Works 

No  outlet  works  or  low  level  drain  are  provided  for 
the  dam  and  lake. 

d.  Reservoir  Area 

The  water  surface  elevation  was  605.0  feet  above 
MSL  on  the  day  of  the  inspection. 

The  reservoir  rim  is  gently  sloping  with  trees  and 
woods  near  the  shore.  There  was  no  evidence  of  any  large 
scale  instability  in  the  reservoir.  Some  trees  around  the 
left  abutment  of  the  embankment  appeared  to  be  leaning  down- 
slope  indicating  the  possibility  of  creep  in  the  residual 
soils. 

e.  Downstream  Channel 

The  discharge  channel  immediately  downstream  from 
the  spillway  is  about  25  feet  wide.  However,  the  channel  is 
overgrown  with  brush  and  trees.  Some  debris  is  also  lying  on 
the  channel,  which  may  reduce  the  hydraulic  efficiency  of  the 
channel. 


3.2 


Evaluation 


^The  following  problems  were  observed  which  could  affect 
the  safety  of  the  dam  or  which  require  immediate  remedial  action. 

1.  Series  of  longitudinal  cracks  on  and  near  the  crest  of 
the  dam. 

2.  Some  sloughing  of  the  upstream  slope  into  the  reservoir. 

3.  Rodent  activity  on  the  embankment. 

4.  Erosion  and  sloughing  of  the  soils  from  the  right  bank  of 
the  spillway  on  the  spillway  channel. 

5.  Vegetative  growth  in  the  spillway  discharge  channel. 

6.  Seepage  observed  in  the  left  bank  of  the  spillway 
discharge  channel. 

7.  Erosion  gullies  at  the  left  abutment  contact. 

8.  Wave  erosion  on  the  upstream  embankment  slope. 


SECTION  4;  OPERATIONAL  PROCEDURES 


4.1  Procedures 


Krueger  Lake  is  used  only  for  recreational  purposes  at 
this  time.  At  the  time  of  its  construction,  the  dam  was  not 
provided  with  a  means  of  lowering  the  reservoir  level.  The  lake 
receives  a  very  limited  amount  of  use.  The  reservoir  level  is 
controlled  by  rainfall,  runoff,  evaporation  and  the  spillway. 

4.2  Maintenance  of  Dam 

The  dam  is  maintained  by  the  owner,  Mr.  Larry  Bade  of 
Warrenton,  Missouri,  as  it  is  needed  and  as  time  permits.  The 
upstream  and  downstream  slopes  are  clear  of  trees  and  brush. 

On  the  day  of  the  inspection,  long  transverse  cracks 
were  noticed  on  the  crest  near  the  upstream  slope  beginning  near 
the  left  abutment.  The  cracks  are  described  in  Section  3  of  this 
report. 


The  owner  has  stated  to  the  inspection  team  that  he 
believes  the  cracks  appeared  more  pronounced  after  the  heavy  rains 
of  April  1979. 

On  the  right  slope  of  the  spillway  there  is  an  area 
approximately  50  feet  by  100  feet  of  erosion  and  wash.  The 
materials  from  this  area  are  slowly  sloughing  into  the  spillway 
channel. 
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4.3  Maintenance  of  Operating  Facilities 

There  are  no  operating  facilities  for  Krueger  Lake  Dam* 

4.4  Description  of  Any  Warning  System  in  Effect 

The  Inspection  team  is  not  aware  of  any  existing  warning 
system  in  effect. 

4.5  Evaluation 


Kreuger  Lake  is  fairly  Isolated  and  receives  a  limited 
amount  of  use  and  maintenance.  The  remedial  measures  listed  in 
this  report  should  be  initiated  within  a  time  period  as  specified 
in  Section  7. 
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SECTION  5:  HYDRAULIC /HYDROLOGIC 


5. I  Evaluation  of  Features 


a.  Design 

The  watershed  area  of  the  Krueger  Lake  Dam  upstream 
from  the  dam  axis  consists  of  approximately  116  acres.  Most 
of  the  watershed  area  Is  wooded  and  covered  with  grass.  Land 
gradients  In  the  higher  regions  of  the  watershed  average 
roughly  25  percent,  and  in  the  lower  areas  surrounding  the 
reservoir  average  about  12  percent.  The  Krueger  Lake 
Reservoir  is  located  on  an  intermittent  stream  which  joins  an 
unnamed  tributary  of  Smith  Creek.  The  reservoir  is  about  one 
mile  upstream  to  the  east  from  the  confluence  of  the  unnamed 
tributary  and  Smith  Creek.  At  its  longest  arm  the  watershed 
is  approximately  0.6  mile  long.  A  drainage  map  showing  the 
watershed  area  is  presented  as  Plate  1  in  Appendix  B. 

Evaluation  of  the  hydraulic  and  hydrologic  features 
of  Krueger  Lake  Dam  was  based  on  criteria  set  forth  in  the 
Corps  of  Engineers'  "Recommended  Guidelines  for  Safety 
Inspection  of  Dams",  and  additional  guidance  provided  by  the 
St.  Louis  District  of  the  Corps  of  Engineers.  The  Probable 
Maximum  Flood  (PMF)  was  calculated  from  the  Probable  Maximum 
Precipitation  (PMP)  using  the  methods  outlined  in  the  U.S. 
Weather  Bureau  Publication,  Hydrometeorological  Report  No.  33. 
The  probable  maximum  storm  duration  was  set  at  24  hours,  and 
storm  rainfall  distribution  was  based  on  criteria  given  in  EM 
1110-2-1411  (Standard  Project  Storm).  The  SCS  method  was 
adopted  for  deriving  the  unit  hydrograph,  utilizing  the  Corps 
of  Engineers'  computer  program  HEC-1  (Dam  Safety  Version). 
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The  unit  hydrograph  parameters  are  presented  in  Appendix  B. 
The  SCS  method  was  also  used  for  determining  loss  rate.  The 
hydrologic  soil  group  of  the  watershed  was  determined  by  use 
of  published  soil  maps.  The  hydrologic  soil  group  of  the 
watershed  and  the  SCS  curve  number  are  presented  In  Appendix 
B.  The  curve  number,  the  unit  hydrograph  parameters,  the  PMP 
index  rainfall  and  the  percentages  for  various  durations  were 
directly  Input  to  the  HEC-1  (Dam  Safety  Version)  computer 
program  to  obtain  the  PMF  hydrograph.  The  computed  peak 
discharge  of  the  PMF  and  one-half  of  the  PMF  are  2,777  cfs  and 
1,388  cfs  respectively. 

Both  the  PMF  and  one-half  of  the  PMF  inflow  hydro¬ 
graphs  were  routed  through  the  reservoir  by  the  Modified  Puls 
Method  also  utilizing  the  HEC-1  (Dam  Safety  Version)  computer 
program.  The  reservoir  was  assumed  at  the  spillway  crest 
level  at  the  start  of  routing  computation.  The  peak  outflow 
discharges  for  the  PMF  and  one-half  of  the  PMF  are  2,204  and 
1,090  cfs  respectively.  Both  the  PMF  and  one-half  of  the  PMF 
when  routed  through  the  reservoir  result  in  overtopping  of  the 
dam. 


The  stage-outflow  relation  for  the  spillway  was 
prepared  from  field  notes,  and  sketches,  prepared  during  the 
field  inspection.  The  reservoir  stage-capacity  data  were 
based  on  the  U.S.G.S.  Treloar  Quadrangle  topographic  map 
(7.5  minute  series).  The  spillway  and  overtop  rating  curve 
and  the  reservoir  capacity  curve  are  presented  in  Plates  2  &  3 
respectively  in  Appendix  B. 

From  the  standpoint  of  dam  safety,  the  hydrologic 
design  of  a  dam  aims  at  avoiding  overtopping.  Overtopping  is 
especially  dangerous  for  an  earth  dam  because  the  downrush  of 
waters  over  the  crest  will  erode  the  dam  embankment  and 
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release  all  the  stored  water  suddenly  Into  the  downstream 
floodplain.  The  safe  hydrologic  design  of  a  dam  requires  a 
spillway  discharge  capability,  in  combination  with  an  embank¬ 
ment  crest  height  that  can  handle  a  very  large  and  exceedingly 
rare  flood  without  overtopping. 

The  Corps  of  Engineer  designs  its  dams  to  safely 
pass  the  Probable  Maximum  Flood  that  is  estimated  could  be 
generated  from  the  upstream  watershed.  This  is  the  generally 
accepted  criterion  for  major  dams  throughout  the  world,  and  is 
the  standard  for  dam  safety  where  overtopping  would  pose  any 
threat  to  human  life.  According  to  the  Corps  criteria,  the 
hydrologic  requirement  for  safety  for  this  dam  is  the  capa¬ 
bility  to  pass  the  Probable  Maximum  Flood  without  overtopping. 

b.  Experience  Data 

It  is  believed  that  records  of  reservoir  stage  or 
spillway  discharge  are  not  maintained  for  this  site. 

c.  Visual  Observations 


Observations  made  of  the  spillway  during  the  visual 
inspection  are  discussed  in  Section  3.1.c(l)  and  evaluated  in 


d.  Overtopping  Potential 

As  indicated  in  Section  5.1 -a,  both  the  Probable 
Maximum  Flood  and  one-half  of  the  Probable  Maximum  Flood,  when 
routed  through  the  reservoir,  resulted  in  overtopping  of  the 
dam.  The  peak  outflow  discharges  for  the  PMF  and  one-half  of 
the  PMF  are  2,204  and  1,090  cfs  respectively.  The  PMF  over¬ 
topped  the  dam  crest  by  1.55  feet  and  one-half  of  the  PMF 
overtopped  the  dam  crest  by  0.88  feet,  respectively.  The 
total  duration  of  embankment  overflow  is  6.42  hours  during  the 
PMF,  and  5.42  hours  during  one-half  of  the  PMF.  The  spillway 
and  the  reservoir  systems  of  Krueger  Lake  Dam  is  capable  of 
accommodating  a  flood  equal  to  approximately  10  percent  of  the 
PMF  just  before  overtopping  the  dam. 

The  computed  one  percent  and  ten  percent  chance 
floods  using  100-  and  10-year,  24  hour  rainfall  data  were 
routed  through  the  reservoir.  The  routing  results  indicate 
that  the  100-year  flood  will  overtop  the  dam  by  0.07  feet  and 
the  reservoir/spillway  system  can  accommodate  the  10-year 
flood  with  a  freeboard  of  0.49  feet. 

The  failure  of  the  dam  could  cause  extensive  damage 
to  the  property  downstream  of  the  dam  and  possible  loss  of 
life.  There  are  four  dwellings,  one  gravel  road  crossing,  an 
one  state  highway  crossing  within  about  a  mile  downstream  from 
the  dam. 
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SECTION  6:  STRUCTURAL  STABILITY 


6.1  Evaluation  of  Structural  Stability 

a.  Visual  Observations 

There  was  definite  distress  on  the  crest  and  slopes 
as  was  evidenced  by  longitudinal  cracks  showing  vertical 
offsets  and  sloughing  of  part  of  the  upstream  slope  into  the 
reservoir.  The  extent  and  degree  of  this  instability  could 
not  be  determined  from  the  visual  inspection,  but  the 
observations  indicate  a  condition  which  is  sufficiently 
serious  to  warrant  further  study  in  the  near  future. 

The  upstream  slope  of  the  embankment  did  not 
contain  riprap  protection,  and  has  undergone  some  wave 
erosion.  This  condition  is  not  serious  at  this  time,  but 
should  be  watched  and  repairs  made  as  required.  The  rodents 
on  the  embankment  slope  should  be  eliminated. 

The  right  bank  of  the  spillway  channel  at  the  crest 
should  be  stabilized  to  prevent  soil  from  eroding  and/or 
sloughing  into  the  channel.  If  not  repaired  the  channel  will 
eventually  be  filled  with  debris. 

The  hillside  to  the  left  of  the  dam  embankment, 
although  indicating  some  instability,  is  not  felt  to  present  a 
hazard  to  the  dam  at  this  time. 
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b.  Design  and  Construction  Data 


No  design  or  construction  data  relating  to  the 
structural  stability  of  the  dam  or  appurtenant  structures  were 
found* 


c.  Operating  Records 

No  operating  records  are  available  relating  to  the 
stability  of  the  dam  or  appurtenant  structures.  Water  levels 
have  not  been  recorded.  The  reservoir  was  3  feet  below 
spillway  crest  on  the  day  of  inspection. 

d.  Post  Construction  Changes 

No  post  construction  changes  exist  which  will 
effect  the  structural  stability  of  the  dam. 

e.  Seismic  Stability 

According  to  the  Seismic  Zone  Map  of  Contiguous 
States,  From  TM  5-809-10/NAVFAC  P.355/AFM  88-3,  Chapter  13; 
April  1977,  the  portion  of  Missouri  in  which  Krueger  Lake  Dam 
is  located  is  in  Seismic  Zone  2.  This  means  there  is  only 
moderate  damage  probability.  A  detailed  seismic  analysis  is 
not  felt  to  be  necessary  for  this  embankment  under  present 
conditions.  If  a  stability  analysis  is  to  be  performed,  the 
seismic  coefficient  recommended  is  0.05. 


SECTION  7:  ASSESSMENT/REMEDIAL  MEASURES 


7.1  Dam  Assessment 

The  assessment  of  the  general  condition  of  the  dam  is 
based  upon  available  data  and  visual  inspections.  Detailed 
investigations,  testing,  and  detailed  computational  evaluations  are 
beyond  the  scope  of  a  Phase  I  investigation;  however,  the  inves¬ 
tigation  is  intended  to  identify  any  need  for  such  studies. 

It  should  be  realized  that  the  reported  condition  of  the 
dam  is  based  on  observations  of  field  conditions  at  the  time  of 
inspection  along  with  data  available  to  the  inspection  team. 

It  is  also  important  to  note  that  the  condition  of  a  dam 
depends  on  numerous  and  constantly  changing  internal  and  external 
conditions,  and  is  evolutionary  in  nature.  It  would  be  incorrect 
to  assume  that  the  present  condition  of  the  dam  will  continue  to 
represent  the  condition  of  the  dam  at  some  point  in  the  future. 
Only  through  continued  care  and  inspection  can  there  be  any  chance 
that  an  unsafe  condition  could  be  detected. 

a.  Safety 

The  spillway  capacity  of  Krueger  Lake  Dam  was  found 
to  be  "Seriously  Indadequate".  The  spillway/reservoir  system 
will  accommodate  only  10  percent  of  the  PMF  without  over¬ 
topping  the  dam.  The  spillway/reservoir  system  can  not 
accommodate  the  100-year  flood  without  overtopping  the  dam. 


The  extent  and  implications  of  the  longitudinal 
cracks  showing  vertical  offset  and  the  sloughing  of  portions 
of  the  upstream  slope  must  be  determined.  The  observations 
made  indicate  a  potentially  hazardous  condition  which  should 
be  studied  in  further  detail.  The  study  on  the  embankment 
should  Include  gathering  data  on  the  embankment  material  and 
foundation  conditions,  and  monitoring  the  embankment  section 
for  future  movement. 

The  wave  erosion  on  the  upstream  embankment  slope 
has  not  progressed  to  a  significant  degree  at  this  time,  but 
the  condition  should  be  monitored  and  repairs  made  as 
required.  The  rodent  activity  is  significant  at  this  time, 
and  all  rodents  should  be  eliminated  from  the  embankment  as 
soon  as  possible. 

The  seepage  occurring  in  the  spillway  discharge 
channel  does  not  appear  to  be  serious  at  this  time.  However, 
the  condition  should  be  monitored,  and  any  changes  in  the 
quantity,  location  or  color  of  the  seepage  flow  reported  to 
the  appropriate  authority. 

The  right  bank  of  the  spillway  channel  at  the  crest 
should  be  stabilized  to  prevent  further  erosion  of  soils  into 
the  spillway  channel.  In  addition,  all  trees  and  brush  should 
be  cleared  from  the  spillway  discharge  channel,  and  future 
growth  prevented. 

The  erosion  gullies  at  the  left  abutment  contact 
should  be  filled  with  compacted  material,  and  repairs  made  to 
future  erosion  as  required. 
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b. 

Adequacy  of  Information 

Information  concerning 

the 

dam 

and  appurtenant 

structures 

is  not  available.  It 

is 

recommended  that 

the 

following 

problem: 

programs  be  initiated 

to 

help 

alleviate 

this 

1.  Periodic  inspection  of  the  dam  by  an  engineer  experienced 
in  the  design  and  construction  of  earth  dams  should  be 
made  and  this  inspection  report  made  a  matter  of  record. 

2.  Set  up  a  maintenance  schedule  and  log  all  visits  to  the 
dam  for  operation,  repairs  and  maintenance. 

3.  Perform  seepage  and  stability  analyses  comparable  to  the 
"Recommended  Guidelines  for  Safety  Inspection  of  Dams". 

c.  Urgency 

The  study  of  the  embankment  stability  should  begin 
immediately.  The  remainder  of  the  remedial  measures  should  be 
accomplished  in  the  near  future. 

d.  Necessity  for  Phase  II  Inspection 

The  embankment  stability  study  is  felt  to  be 
necessary  to  determine  the  safety  of  the  embankment.  This 
study  will  include  many  of  the  items  called  for  in  a  Phase  II 
study. 
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7.2 


Remedial  Measures 


a.  Alternatives: 

Spillway  capacity  and/or  height  of  dam  should  be 

increased  to  accommodate  the  PMF  without  overtopping  the 

dam. 

b.  0  &  M  Procedures 

1.  Perform  an  investigation  of  the  stability  and  safety 
of  the  embankment  due  to  the  distress  signs  observed 
during  the  visual  inspection. 

2.  Eliminate  all  rodents  from  the  embankment. 

3.  Stabilize  the  right  bank  of  the  spillway  channel  at 
the  crest. 

4.  Repair  the  erosion  gullies  at  the  left  abutment 
contact. 

5.  Clear  the  spillway  discharge  channel  of  all  trees 
and  large  brush. 

6.  Monitor  the  seepage  occuring  in  the  left  bank  of  the 
spillway  discharge  channel,  and  report  any  changes 
in  quantity,  location  or  color  of  flow. 

7.  Monitor  the  wave  erosion  on  the  upstream  embankment 
slope,  and  make  repairs  as  required. 
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8 


The  owner  shall  Initiate  the  following  programs: 


(a)  Periodic  Inspection  of  the  dam  by  a  profes¬ 
sional  engineer  experienced  In  the  design  and 
construction  of  earthen  dams. 

(b)  Set  up  a  maintenance  schedule  and  log  all 
visits  to  the  dam  for  operation,  repairs  and 
maintenance. 
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